, 


G AFETY CERTIFICATE 


2 
This for in be used as a Landlord’s gas safety certificate 
d 9 
cngineer Contract Number UOS Landlords Details if Different 
| Gas Safe C Customer Name Grgie Name 
Engie Office Address Site Address Gesert Flats A Address Heme 
If, Gans ahefheid Enter Company 
Postcode SO SED. Postcode Registration 
Received By Signature Rented Accommodation (YESJNO Number 
Landlords Service Appliance Details 
appliance | Inspection Flue Type 
Repair Location Type Model Serial Number Burner Manufacturer (OF/RSAEL) 
[ < j 2 1 : 
Plat moor bo | Sen Yoriles Retvencr OPep 48 iN 22750 $380 Rowena gs 
< z = 
Jeht of main | Syste locales ermorer QPo 45 IN TO2ZSO $270 (leven ae) 
enunreg | toler hecdey fess BCE 80/080 Pit Coss | 04 
[ ZO a Pa | 
General Safety Checks Resuit | General Safety Checks Result Ventilation 
- 4 = 
as INUNAY ‘impeach ry Flue termination satisfactory (Yes/No/NA) Yos Low level free area cm? or ventilation flow rate inlet mh | Actual_44 Bo ca Required (Calculated) 256. qe 
ah a ae Tolar Tine diagram at Mas ie se coticse tet een cai out from local Ys High level free area cm? or ventilation flow rate extract m'/h Actual (4S qu? Required (Calculated) _ \C2. ee 
Is the meter installation correct (Yes/No} . Is gas pipework electrically bonded (Yes/No) All ventilation grills clear and unobstructed (Yes/No) Fans and/or flue interlocks operating correctly (Yes/No/NA) 
“os S ‘us “e> 
ab caleba p= Nii aminaaaeae Me Details of any faults Remedial Action Taken Comments and calculations 
Gas |nstallation pipework sleeved and sealed as} Q Are emergency valve handles in place and 
appropriate (Yes/No) “Ces | labelled (Yes/No) Yes 
(ouNaniAY amie ent i ade ana Ups | Be valves fall to the correct position (Yes/No) Yo 
Pele aha my ee a J Yes : Arca clear of combustible materials (Yes/No) Yes 
7 Appt or | App2or | App3or | App dor App tor | App2or | App3or | App4or 
Appliance Checks — vet App 1 High| App 1 Low | App 2 High| App 2 Low App 1 High | App 1 Low | App 2 High| App 2 Low 
Flue flow test satisfactory (Yes/No/NA) Mes Yes Ups as Deser papas meh OCHeaRIO DEANNA) NA NA Carbon Dioxide (O,) (%) 
+ — — 
Spillage test satistactory (Yes/No/NA) “% yy Yes YN s Cabne pressure (mbar) or heat input kW”) BS ies a Excess Air (96) 
Air/Gas switch operating correctly (Yes/No/NA) Gas rating measured (kW/h / NA) | CO/CO, Retio 
“es Yos Yes ss! ic) fal na 
fan re Gevices operating correctly WG s “es 5 3 Air/gas ratio control setting (6/NA) MA nay nm Gross Efficiency (%) 
— - 
Bariecock-cak teye frecon) a0 me let ie flue gas temperature (gross less ambient) 36 24 13S CO flue dilution (ppm) a we | 
Temperature and limit thermostats operating p 1 ite T 
correctly (Yes/No) ‘er | ‘es | es Oxygen (Os %) 4G 14% 110% |_}] Btangng praseune briben 2) ag 2 
Heat net input rating data (kW) A \ P Carbon Monoxide (CO\ppm) C Working pressure (mbar) 
GUL) | aie |aqles sé |Go | 2 | zo 
Worksheat No ( if used) » Declaration of gas safety -1 confirm that all of the above work described on this form has been satisfactorily eppliance sate for uae (YEHNc} |! ‘tes Yoo Ae) 2 J 
147 283 1G completed in accordance with the current Gas Safety (installation and use) regutations, standards and procedures. Has a warning advice notice been raised 
[= = — | (No or Waring notice Ser No or No's) WA 
Checked by (office use) Date 
(es tee Test Instrument Anion v3co 
Entered on database Signature Test Instrument serial number ue SQ é 3390 | 


Yellow - Service Centre, Pink - Site, 


Green - Engineer 


Gas Safety Certificate 
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